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NOTE! 


1. FOR LEGEND, ABBREVIATIONS AND GENERAL NOTES, SEE OWG. 

2. LEAVE 3' OF COILED CABLE (TAG & TAPE CONDUCTOR ENDS) AT 
EXISTING SPEAKER. DISCONNECTION OF EXISTING SPEAKER CIRCUIT 
WIRING AND FINAL CONNECTION TO EXISTING SPEAKER WILL BE 
MADE BY OTHERS. 

3. DISCONNECTION AND REMOVAL OF EXISTING TENANT AMPLIFIERS AND 
ASSOCIATED WIRING UP TO THE LAST SPEAKER, AND CONNECTION OF 
E.O.L RESISTOR AT THE LAST SPEAKER WILL BE MADE BY OTHERS 
AFTER INSTALLED SPEAKERS ARE TESTED AND OPERATIONAL. 

4 * REMOVE OLD SPEAKERS AS DIRECTED BY THE ENGINEER AND PROVIDE 
PATCHING AS PER INDICATED PATCHING DETAIL NUMBER NEXT TO THE 
OLD SPEAKER. DISCONNECTION OF OLD SPEAKERS WILL BE MADE BY 
OTHERS. 

5. FOR REMOVAL AND PATCHING PLAN DETAILS (P-1. P-2, P-J * P~4). 
SEE DWG A-1. ' 


SPEAKER CIRC UIT/LOADING TABLE 


SPEAKER 
TAP/dB 
SETTING 

Wotts 

1/8 

1/4 

1/2 

1 

2 

4 

TOTAL 
POWER 

(Wotts) 

CIRCUIT 
LENGTH 

(«0 

dS 

75 

78 

81 

84 

87 

90 

QUANTITY 

OF 
SPEAKERS 
PER 
CIRCUfT 

SPK-A 

3 


6 

2 



5.375 

385 

SPK-B 


1 

6 

1 



4.250 

405 

SPK-C 



5 




2.500 

450 

SPK-D 

1 

2 

5 

1 



4.125 

420 

GRAND TOTAL 

16.250 

1660 
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ELECTRICAL ENGINEER 


I HE8SSY CERTIFY THAT TH© IS A TRUE AND CORftfCI 
COPY OF ONE OF THE CONTRACT DRAWINGS 
STTTUTING A PART OF CONTRACT NO. 
W THE FORM IN WHICH SAID DRAWINGS EXISTED! AT 
THE TIME THE SAID CONTRACT WAS EXECUTED! BY 
THE PARTES. 

DAT E 7-yfT-^-7 
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WTC-36 1.077 


